inspector Siria was recalled as the court's witness_and
he was asked to explain his interpretation of the exception
found in section 75.1103-4(a)(1J.  He stated that he person-
ally preferred the application of subsection (1) which
requires sensors at the "beginning and end of each belt
flight," and that he did not fully understand the application
of the exception found in subparagraph (3) <Tr. 106).  When
asked to give an opinion as to what the standard writers had
in mind when the regulation was promulgated, he responded "I
donTt know what this guy was thinking about when he wrote
that" (Tr. 107-108).

Mr. Siria candidly conceded that accepting the peti-
tioner's argument that the 24 hour exception applies only to
the sensors between the-beginning and end of a beltline could
result in a 500 foot'belt without fire sensors between the
beginning and end of the belt over a 24-hour period.  When
asked to explain the logic of requiring an immediate sensor
at the end of the belt and not in the middle, he responded
"because that's the most likely place for a fire to begin, at
the tailpiece" (Tr. .108).

When asked for his opinion about the theory of the
respective positions of the parties in this case, Mr. Siria
responded "I think they're both right" (Tr. 110), and he
explained further as follows (Tr. 113-114):

I think you have twenty-four hours to get
the sensoring head if it's in excess of a
hundred and twenty-five feet.  But I think the
sensoring are supposed to be from the begin-
ning to the end of the belt like it states in
the first part of the paragraph.  But like the
guy . . . like'I said, maybe the guy that wrote
this said'. . . when they extend their sensor-
ing wire, theyfre automatically on a hundred
and twenty-five, they don't have to put them on.
Ray said now .they're seventy-five.  So they
don't have to add these sensoring heads.  But
I'm sure that when the law first came into
effect, they put a line in and they added sen-
soring heads later.  But I think, like the
first paragraph, like Tom, Mr. Grooms said, it
should be from the beginning to the end.  And I
think . . . like Bruce says that it should be
. . .they should have twenty-four hours to put
that in, any in between.  Now, this would be an
exception to them because they don't have to

90while allowing 24 hours to install one in the
